
BUSDUCT VERTICAL SUPPORT DETAIL 

ms. 

/fS OfiOP Rpp._StZE A*JD SPACING AS PER 

\£/ MANUFACTURER'S RECOMMENDATIONS AND CODE. 

^) BUSDUCT 

^) FLATWISE HANGER SQUARE "O* # HF-13-F 



BUSDUCT WALL AMD FLOOR 
OPENING DETAIL 

M.T.S. 

NOTES: 

1. SEE ARCHITECTURAL DRAWINGS fOft FIRE SATING DETAILS. 



BUSDUCT HANGER - EDGWISE 
SUPPORT DETAIL 


NTS. 


DROP ROO. SIZE AND SPACING AS PER 
MANUFACTURER'S RECOMMENDATIONS AND CODE. 

BUSDUCT 

EOGEWSE HANGER SQUARE D' #HF-78-F 


CONNECT 
TO BOX 


CONNECTOR 
BURNDY BARTAP 
P. 199 



CONNECT ALL COT. 
GROUND BUSHINGS. 


GROUND WIRE 


CONNECT ALL 
«*OUND 
WIRES. 


CONNECTOR 
EURNDY 
SERV5T 
P.202 


GROUND WIRE 
CONNECTOR 


RISER 
CABLE 
SUPPORT 
ONLY 


TYPICAL GROUND CONNECTION 
DETAIL FOB CABLE SUPPORT 
AMD PULL BOXES 


ILLS. 

MOTES: 

^ CABLE SUPPORT 00X IN SHAFT. 
CABLE SUPPORT 
4" RCS. 

<J) 500 KCMtL + 1|4/0 GROUND. 



VERTICAL CONDUIT SUPPORT DETAIL 

W.T.S. 

mm-. 

(J) CHANNEL RON 
^) 4" CONDUIT 

CONDUIT CLAMP 


EXISTING 1600A 
PAWED PHASE 
ALUMINUM BUSWAY 


FEDERAL PACIFIC 
BUSWAY 


SQUARE '0* 
BUSWAY 



NEW 2000A COPPER 
BUSWAY 


GROUND LUGS 
(TYP OF 1) 


TRANSITION BOX DETAIL 

NOTES: 

1. ALL BUS BAR EXTENT tONS TO BE 2000A. COPPER. 

2. PLATING OF NEW P"SWORK TO MATCH EXISTING. 


Stat 41 « 41 


A 



EDWARDS and ZUCK, PX. 

CONSULTMC SNGMEERS 

390 IM 4M^Myte«Htb NT IMS 
©1»» CUM* «M ZmUUX 




LOW VOLTAGE MSTWUiT* 

&tf ft TWO WTC 

ELECTRICAL 


ELECtHICAL 
BETAI.8 


This drawng s**ijoct to condXiOM in contract. 
AK ittwnwnt, mmqs, dobignv on»i nwthodt 
heroin w* ra oo m d to Pert Authority and 
may net to usod without if s written c owwnt 
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